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E.O. 11,52: N/A 

TAGS: OGEN 

SUB J : GENERATORS 

REF:. SINAI 1435 

1 . SFM IS HAVING FURTHER GENERATOR 
PROBLEMS. NUMBER TWO 

UNIT BURNED OUT GENERATOR EXCITATION WINDINGS YESTERDAY, JULY 
25. WE ARE HAVING GENERATOR FROM NUMBER THREE UNIT (NOW IN TEL 
AVIV) REMOVED FROM DIESEL ENGINE AND BROUGHT TO SFM TO PUT ON 
NUMBER TWO UNIT. EXPECT COMPLETE THIS TRANSFER JULY 27. WILL 
REMOVE GENERATOR FROM NUMBER TWO AND SEND IT TO TEL AVIV FOR 
REWINDING. 

2. REPRESENTATIVE FROM CATAPILLAR CORPORATION GENEVA IS NOW 
IN TEL AVIV EXAMINING ENGINE OFF NUMBER THREE UNIT. WILL SUBMIT 

HIS COMMENTS WHEN AVAILABLE. 

3. NUMBER TWO UNIT BURNED OUT EXCITATION WINDINGS WHEN IT 
WAS BEING PHASED IN WITH NUMBER ONE AT FULL LOAD. PHASE IN WENT 
WELL UNTIL REACHED ABOUT 400 KILOWATTS. AT THIS POINT BURN OUT 
OCCURRED. BELIEVE EXCITATION WINDINGS MAY HAVE BEEN FAULTY AND 
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WERE PERHAPS CAUSE 
OF PREVIOUS PROBLEMS. 

4. BURN OUT ALSO SHUT DOWN NUMBER ONE UNIT FOR HALF AN HOUR. 
NUMBER FOUR (250 KW) WAS STARTED AND USED TO LIGHT GENERATOR 
BUILDING WHILE NUMBER ONE WAS BROUGHT BACK ON LINE. C AND R 
RESERVE GENERATOR PROVIDED COMMUNICATIONS POWER. WHILE COMOPS 
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FUNCTIONED ON BATTERIES. 

5. TEMPORARY SHUT DOWN INDICATED NEED PROVIDE COMOPS POWER IN 
EMERGENCY FROM C&R GENERATOR. REALIZE THAT THIS INVOLVES 
SECURITY CONSIDERATIONS. THEREFORE PROPOSE ARRANGE POWER 
CONNECTION THROUGH BREAKER SWITCH WHICH WOULD BE CLOSED ONLY 
IN EMERGENCY. C AND 4 WOULD TRANSMIT UNCLASSIFIED WHILE SHARING 
POWER WITH COMOPS. AN ALTERNATIVE IS TO PROVIDE SMALL BACKUP 
GENERATOR FOR COMOPS, BUT THIS DUPLICATES MATERIAL AND UPKEEP. 

I DO NOT RECOMMEND THIS ALTERNATIVE. ADVISE. 

HUNT 
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